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THE UNTZD STAINS WITHIN THE MEANIIG OF THE RGPIORAGE ACT So ey 
ey ed S.C. 21 AND 92, AS AWENSIO, M5 TUANSTISSION O8 THE REVELATION BH 
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The following is a tabie showing the properties of the coal ured in the 
Harbxelpower vlant, The table was rrerared in 1948 by the Ingenieur- 
Technisches Ronetoftbtire in Leipzig, but the date is vaiid for 1952. 


Roller (Steam) Coat 


Vater 55.88 % 
Ash 7.89 % 
Carbon © 33.09 % 
Hydrogen ffs 26d ® 
Salfwe § LAL % 
Nitroven No 0.33 & 
Oxygen U9 $93 % 
Net calorific nover 2796 thermal urits 
Calorifie vaive, pure coal 6523 thermal units 
Specific weight 1.243 
Sieve Analvsis 
£0 ron, sieve 17,2 % 
30 mm. 7 7,0 i 
24 gm, n Aali & 
20 mp, 7 6.5 % 
iS nm. ? 8.0 € 
20 ma, 13.4 % 
Z. Wit, ® G20 6 
Siar, 8 4.7 
2 min, f .7 % 
Farsage (Durchgang) 1.5 & 
Fixed Carbon 38 42 | 
Volatile Substance 61,58 & 
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Ash Analysis 


S105 16,41 % 
Fe203 16,30 % 
A1303 15,59 £ 
CaO 20.77 % 
go 0.40 % 
303 29.90 % 
Na20 0,25 & 


Beginring of Sirtering  1070C 
Beginning of Fusing . 

(Erweichung) wQL5ID 
Fusion (Schmelzen) 1265°¢ 
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